256      THE TEMPERATURE-ENTROPY DIAGRAM.
vaporization of from 6 to 7 pounds of S03 to condense 1 pound of steam.
Fig. 95 shows the ideal cycle for a binary engine of this type working between  the pressures and  tern-
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peratures realized by Prof. Josse in the teat at Chariot-tenburg.
The steam-engine was triple expansion, and the ideal cards for such an engine are shown combined at abcde. The heat exhausted to the steam-condenser, or S02 boiler, xr, equals aerm. Of this quantity aa